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PREFACE 


This  report  is  prepared  under  guidance  contained  in 
Recommended  Guidelines  for  Safety  Inspection  of  Dams,  for 
Phase  I  Investigations.  Copies  of  these  guidelines  may  be 
obtained  from  the  Office  of  Chief  of  Engineers,  Washington, 

D.C.  20314.  The  purpose  of  a  Phase  I  Investigation  is  to 
identify  expeditiously  those  dams  which  may  pose  hazards  to 
human  life  or  property.  The  assessment  of  the  general 
condition  of  the  dam  is  based  upon  available  data  and  visual 
inspections.  Detailed  investigations,  and  analyses  involving 
topographic  mapping,  subsurface  investigations,  testing,  and 
detailed  computational  evaluations  are  beyond  the  scope  of  a 
Phase  I  Investigation;  however,  the  investigation  is  intended 
to  identify  any  need  for  such  studies. 

In  reviewing  this  report,  it  should  be  realized  that  the 
reported  condition  of  the  dam  is  based  on  observations  of  field 
conditions  at  the  time  of  inspection  along  with  data  available 
to  the  inspection  team.  In  cases  where  the  reservoir  was 
lowered  or  drained  prior  to  inspection,  such  action,  while 
improving  the  stability  and  safety  of  the  dam,  removes  the 
normal  load  on  the  structure  and  may  obscure  certain  conditions 
which  might  otherwise  be  detectable  if  inspected  under  the 
normal  operating  environment  of  the  structure. 

It  is  important  to  note  that  the  condition  of  a  dam 
depends  on  numerous  and  constantly  changing  internal  and 
external  conditions,  and  is  evolutionary  in  nature.  It  would 
be  incorrect  to  assume  that  the  present  condition  of  the  dam 
will  continue  to  represent  the  condition  of  the  dam  at  some 
point  in  the  future.  Only  through  continued  care  and 
inspection  can  there  be  any  chance  that  unsafe  conditions  be 
detected . 

Phase  I  inspections  are  not  intended  to  provide  detailed 
hydrologic  and  hydraulic  analyses.  In  accordance  with  the 
established  Guidelines,  the  spillway  design  flood  is  based  on  the 
estimated  "Probable  Maximum  Flood"  for  the  region  (greatest 
reasonably  possible  storm  runoff) ,  or  fractions  thereof.  The 
spillway  design  flood  provides  a  measure  of  relative  spillway 
capacity  and  serves  as  an  aid  in  determining  the  need  for  more 
detailed  hydrologic  and  hydraulic  studies,  considering  the  size 
of  the  dam,  its  general  condition  and  the  downstream  damage 
potential . 
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PHASE  I  INSPECTION  REPORT 


NATIONAL  DAM  INSPECTION  PROGRAM 

BRIEF  ASSESSMENT  OF  GENERAL  CONDITION 

AND 

RECOMMENDED  ACTION 


Name  of  Dam:  Wildwood  Lake  Dam 

NDI  ID  No.  PA-00157 
DER  ID  No.  64-30 


Size: 


Small  ( 1 8  feet  high;  644  acre-ft.) 


Hazard 

Classification:  High 


Owner:  Wildwood  Park  Outing  Club,  Inc. 

c/o  Atty.  George  Teets 
R.D.  1 

Moscow,  PA  18444 


State  Located: 
County  Located: 
Stream: 


Pennsylvania 

Wayne 

Ariel  Creek 


Datq  of  Inspection: 


X 


12  November  1980 


Based  on  visual  inspection,  available  records, 
calculations,  past  operational  performance,  and  according 
to  criteria  established  for  these  studies,  Wildwood  Lake  Dam 
is  Judged  to  be  in  fair  condition.  Based  on  the  size  and 
hazard  classification  of  the  dam,  the  Spillway  Design  Flood 
(SDF)  at  the  dam  varies  between  1/2  the  Probable  Maximum  Flood 
(PMF)  and  the  PMF.  Based  on  the  downstream  conditions,  the 
selected  SDF  is  the  PMF.  Under  existing  conditions,  the 
spillway  will  pass  about  48  percent  of  the  PMF  without 
overtopping  of  the  dam.  It  Is  Judged  that  the  dam  could 
withstand  the  depth  and  duration  of  overtopping  that  would 
occur  during  the  1/2  PMF.  If  the  low  areas  on  the  top  of  the 
dam  were  filled  to  the  design  elevation,  the  spillway  would 
pass  about  62  percent  of  the  PMF  without  any  overtopping.  For 
either  condition,  the  spillway  capacity  is  rated  as 
Inadequate.  Both  conditions  were  assessed  without  considering 
failure  of  rah  unnamed  dam  located  0.7  mile  upstream  from 
Wildwood  Lalcfe  Dam.  The  upstream  dam  will  pass  less  than  about 
5  percent  of 'the  PMF,  and  it  is  Judged  that  the  dam  would  fail 
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during  the  1/2  PMF,  and  probably  during  floods  smaller  than 
the  1/2  PMP.  If  the  upstream  dam  were  to  fail,  it  could  cause 
Wildwood  Lake  Dam  to  be  overtopped  and  fall  during  floods 
smaller  than  those  Wildwood  Lake  Dam  could  normally 
withstand. 

No  immediate  stability  problems  were  evident  at  the  time 
of  the  inspection,  but  deficiencies  do  exist  that  could 
eventually  affect  the  stability  of  the  dam. 

Maintenance  of  the  dam  is  considered  inadequate. 

The  following  remedial  measures  are  recommended  to  be 
undertaken  by  the  Owner,  in  approximate  order  of  priority, 
without  delay: 

(1)  Pill  all  low  areas  on  the  top  of  the  dam  to  the 
design  elevation  of  1363*5. 

(2)  Provide  equipment  as  required  for  removal  of  debris 
that  might  collect  on  the  spillway  bridge  supports  during 
floods . 

(3)  Remove  all  brush  and  trees  from  the  slopes  of  the 
embankment. 

(4)  Make  modifications  as  required  to  ensure  access  to 
the  valve  operating  mechanism  under  all  conditions  and  restore 
the  mechanism  to  its  full  operating  condition. 

(5)  Visually  monitor  the  condition  of  the  chute  joints 
and  the  concrete  and  stone  apron.  If  conditions  worsen, 
design  and  construct  remedial  measures. 

(6)  Provide  a  means  for  preventing  erosion  at  the  toe 
of  the  dam  in  the  event  of  prolonged  outlet  works  discharge. 

All  designs,  and  inspection  of  construction  should  be 
performed  by  a  professional  engineer  experienced  in  the  design 
and  construction  of  dams. 

In  addition,  the  Owner  should  Institute  the  following 
operational  and  maintenance  procedures: 

(1)  Develop  a  detailed  emergency  operation  and  warning 
system  for  Wildwood  Lake  Dam.  When  warnings  of  a  storm  of 
major  proportions  are  given  by  the  National  Weather  Service, 
the  Owner  should  activate  his  emergency  operation  and  warning 
system. 

(2)  During  periods  of  unusually  heavy  rains,  provide 
round-the-clock  surveillance  of  Wildwood  Lake  Dam. 
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(3)  As  presently  required  by  the  Commonwealth,  Institute 
a  program  of  formal  annual  inspections  by  a  professional 
engineer  experienced  in  the  design  and  construction  of  dams. 
Utilize  the  inspection  results  to  determine  if  remedial 
measures  are  necessary. 

WILDWOOD  LAKE  DAM 


Submitted  by: 


GANNETT  FLEMING  CORDDRY 
AND  CARPENTER,  INC. 


FREDERICK  FUTCHKO 

Project  Manager,  Dam  Section 


Date:  13  April  1981 


Approved  by: 

DEPARTMENT  OF  THE  ARMY 
BALTIMORE  DISTRICT, 
CORPS  OF  ENGINEERS 
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WILDWOOD  LAKE  DAM 


NDI  ID  No.  PA-00157;  DER  ID  No.  64-30 
PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  INSPECTION  PROGRAM 
SECTION  1 

PROJECT  INFORMATION 


1.1  General. 


a.  Authority.  The  Dam  Inspection  Act,  Public 

Law  92-367,  authorized  the  Secretary  of  the  Army,  through 
the  Corps  of  Engineers,  to  initiate  a  program  of  inspection 
of  dams  throughout  the  United  States. 

b.  Purpose .  The  purpose  of  the  inspection  is  to 
determine  if  the  dam  constitutes  a  hazard  to  human  life  or 
property. 

1.2  Description  of  Project 

a.  Dam  and  Appurtenances.  Wildwood  Lake  Dam  consists 
of  an  earthen  embankment,  an  overflow  spillway,  and  an  outlet 
works.  The  embankment  is  zoned,  consisting  of  an  impervious 
central  core  uith  random  fill  zones  on  each  side.  The 
embankment  is  445  feet  long  and  18  feet  high  at  the  highest 
section  of  the  dam. 

The  spillway  is  located  at  the  highest  section  of 
the  dam.  A  concrete-lined  approach  channel  leads  from  the 
reservoir  to  a  triangular,  concrete  weir.  A  footbridge  with 
three  supports  spans  the  approach  channel.  The  crest  of  the 
spillway  weir  is  55.3  feet  long  and  5*5  feet  below  the  design 
level  for  the  top  of  the  dam.  A  steep  concrete  chute  conveys 
the  water  to  the  downstream  toe.  A  concrete  and  stone  apron 
is  located  at  the  bottom  of  the  chute. 

The  outlet  conduit  is  a  24-inch  diameter  concrete 
pipe.  A  gate  valve  is  located  at  the  upstream  end  of  the 
conduit,  and  there  is  a  small  concrete  outlet  structure  at  the 
downstream  end.  The  various  features  of  the  dam  are  shown  on 
the  Photographs  in  Appendix  C  and  on  the  Plates  in  Appendix  E. 
A  description  of  the  geology  is  included  in  Appendix  F. 
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b.  Location.  Wildwood  Lake  Dam  Is  located  on  Ariel 
Creek  in  Lake  Township,  Wayne  County,  Pennsylvania, 
approximately  4  miles  west  of  Lakeville.  Wildwood  Lake  Dam 
is  located  on  USGS  Quadrangle,  Lakeville,  Pennsylvania,  at 
latitude  N  41°  26'  35"  and  longitude  W  75°  20’  50".  A 
location  map  is  shown  on  Plate  E-l. 

c.  Size  Classification.  Small  ( 1 8  feet  high,  644  acre- 
feet)  . 

d.  Hazard  Classification.  High  hazard.  Downstream 
conditions  indicate  that  a  high  hazard  classification  is 
warranted  for  Wildwood  Lake  Dam  (Paragraphs  3.1e  and 

5.1c  (5)). 


e.  Ownership.  Wildwood  Park  Outing  Club,  Inc.,  c/o 
Atty.  George  Teets,  R.D.  1,  Moscow,  PA  18444. 

f.  Purpose  of  Dam.  Recreation. 

g.  Design  and  Construction  History.  An  earth  and 
rockfill  dam  was  constructed  at  the  site  sometime  prior  to 
1917.  The  dam  was  about  8  feet  high  and  about  250  feet  long. 
Minor  maintenance  work  was  performed  throughout  the  period 
from  1917  until  1955.  In  August  1955,  a  flood  occurred  that 
apparently  caused  overtopping  failure  of  the  dam.  Reportedly 
the  breach  was  about  50  feet  long  and  extended  8  feet  Into 
the  foundation. 

A  design  for  reconstructing  a  dam  at  the  site  was 
prepared  by  James  A.  Scandale,  Consulting  Engineer,  of 
Scranton,  Pennsylvania  In  1955.  The  design  included 
provisions  for  raising  and  lengthening  the  dam,  constructing 
a  new  spillway,  and  constructing  an  outlet  works.  Due  to  the 
extent  of  the  reconstruction,  only  small  remnants  of  the 
original  structure  were  used  in  the  work.  The  work  was 
completed  In  1956.  Since  that  time,  there  have  been  no  major 
modifications . 

h.  Normal  Operational  Procedure.  The  pool  is 
maintained  at  the  spillway  crest  level  with  excess  inflow 
discharging  over  the  spillway.  The  outlet  works  is  used 
occasionally  to  draw  down  the  pool  level  for  maintenance 
purposes . 

1 . 3  Pertinent  Data. 

a.  Drainage  Area.  (square  miles)  2.24 
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b.  Discharge  at  Damslte.  (cfs.) 
Maximum  known  flood  at  damsite 
Outlet  works  at  maximum 

pool  elevation 

Spillway  capacity  at  maximum 
pool  elevation 

Design  conditions 
Existing  conditions 

c.  Elevation.  (feet  above  msl.) 
Top  of  dam 

Design  conditions 
Existing  conditions 
Maximum  pool 

Design  conditions 
Existing  conditions 
Normal  pool  (spillway  crest) 
Upstream  invert  outlet  works 
Downstream  invert  outlet  works 
Streambed  at  toe  of  dam 

d.  Reservoir  Length.  (miles) 
Normal  pool 

Maximum  pool  (design) 

e.  Storage.  (acre-feet) 

Normal  pool 
Maximum  pool  (design) 

Maximum  pool  (existing) 

f.  Reservoir  Surface.  (acres) 
Normal  pool 

Maximum  pool  (design) 

Maximum  pool  (existing) 

g.  Dam. 

Type 


Length  (feet) 


Height  (feet) 

Topwldth  (feet) 
Design 
Existing 


3- 


Unknown 
6  4 


2,710 

2,070 


1363.5 

1362.6 

1363.5 

1362.6 
1358.0 
1354.0 
1349.5 
1345.0 


0.64 
0 . 68 


290 

724 

644 


67 

92 

87 


Zoned 
earthf ill 

445,  em¬ 
bankment 
only 

18 


9.8 

8.0 


r 


g 


Dam  (cont'd.) 
Sides  Slopes 
Upstream 


Design 

Existing 

Downstream 

Design 

Existing 

IV  on  3. OH 

IV  on  2.75H 

IV  on  2H 

IV  on  1.9H 

Zoning 

Impervious 
central  core; 
two  random 

zones 

Cutoff 

Cutoff  trench 
filled  with 
impervious 
material 

Grout  Curtain 

None 

Diversion  and  Regulating 

Tunnel . 

None 

Spillway. 

Type 

Concrete 
triangular 
weir  and 
concrete 
chute 

Length  of  Weir  (feet) 

55.3 

Crest  Elevation 

1358.0 

Upstream  Channel 

Concrete-lined 

approach 

channel 

Downstream  Channel 

Concrete  and 
stone  apron 

Regulating  Outlets. 

Type 

One  24-inch 
diameter 
concrete  pipe 
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J.  Regulating  Outlets  (continued) 

Length  (feet)  48 

Closure  24-inch 

gate  valve 
at  upstream 
end 

Access  Walkway 

extending 

from 

upstream 

slope 
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SECTION  2 


ENGINEERING  DATA 


2.1  Design. 

a.  Data  Available.  Data  available  include  a  report 
prepared  in  1917  by  the  Pennsylvania  Water  Supply  Commission 
(PWSC),  design  drawings  for  the  1956  reconstruction,  a  permit 
application  report  prepared  by  the  Commonwealth  in  1955,  and 
miscellaneous  correspondence. 

b.  Design  Features.  The  project  is  described  in 
Paragraph  1.2a.  The  various  features  of  the  dam  are  shown  on 
the  Photographs  in  Appendix  C  and  on  the  Plates  in 
Appendix  E. 

c.  Design  Considerations.  There  are  two  concerns  arising 
from  review  of  the  design  data.  The  first  is  that  no 
underdrainage  facilities  were  provided  beneath  the  spillway 
chute  slab.  The  slab  is  only  1  foot  thick,  and  it  could  be 
vulnerable  to  damage  resulting  from  uplift  pressures  that 
might  develop  under  high  pool  level  conditions.  Some 
mitigation  of  uplift  pressures  will  occur  as  a  result  of  a 
seepage  cutoff  wall  that  was  included  at  the  upstream  end  of 
the  chute,  but  a  potential  for  damage  might  still  exist.  The 
second  concern  is  that  the  area  where  the  foundation  was 
scoured  to  an  8-foot  depth  was  filled  with  rockfill  and  then 
covered  with  embankment  material.  No  intervening  filter  layer 
was  used  between  the  rockfill  and  the  foundation  or  between 
the  rockfill  and  the  enbankment  material.  If  seepage  were  to 
develop,  piping  (internal  erosion)  of  foundation  or  embankment 
soil  into  the  rockfill  might  occur. 

2.2  Construction  Data. 


a.  Data  Available.  The  only  construction  data  available 
was  a  letter  to  the  Commonwealth  from  the  Owner  certifying 
that  the  work  was  performed  in  accordance  with  the  approved 
plans  and  specifications. 

b.  Construction  Considerations.  The  available  data 
are  insufficient  to  assess  the  construction  of  the  dam. 

2.3  Operation.  There  are  no  formal  records  of  operation. 
Correspondence  indicates  that  there  have  been  no  significant 
problems  since  the  dam  was  reconstructed  in  1956. 
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2.4  Evaluation. 


a.  Availability.  Engineering  data  were  provided  by  the 
Bureau  of  Dams  and  Waterway  Management,  Department  of 
Environmental  Resources,  Commonwealth  of  Pennsylvania 
(PennDER).  Representatives  of  the  Owner  were  available  for 
Information  during  the  visual  Inspection. 

b.  Adequacy.  The  type  and  amount  of  available  design 
data  and  other  engineering  data  are  fair,  and  the  assessment 
is  based  on  the  combination  of  available  data,  visual 
inspection,  performance  history,  hydrologic  and  hydraulic 
assumptions,  and  calculations  developed  for  this  report. 

c.  Validity.  There  is  no  reason  to  question  the 
validity  of  the  available  data. 
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SECTION  3 
VISUAL  INSPECTION 


3 . 1  Findings . 

a.  General.  The  overall  appearance  of  the  dam  is  fair. 
Some  deficiencies  were  observed  as  noted  below.  A  sketch  of 
the  dam  with  the  locations  of  deficiencies  is  presented  on 
Exhibit  B-l  in  Appendix  B.  Survey  information  acquired  for 
this  Report  is  summarized  in  Appendix  B.  Datum  used  for  the 
survey  was  the  spillway  crest  level.  Elevation  1358.0.  On  the 
day  of  the  inspection,  the  pool  was  at  the  spillway  crest 
level. 


b.  Embankment .  The  top  of  the  dam  is  8  feet  wide  and 
covered  with  a  growth  of  grass  (Photograph  A).  The  survey 
data  show  that  elevations  along  the  top  of  the  dam  vary  from  a 
low  point  adjacent  to  the  spillway  at  Elevation  1362.6  to  the 
design  elevation  of  1363-5  at  the  abutments. 

Riprap  on  the  upstream  slope  is  generally  in  good 
condition,  but  some  portions  of  the  slope  are  overgrown  with 
brush  and  trees  (Photograph  B) .  The  upstream  slope  is 
slightly  steeper  than  the  design  value  of  IV  on  3H. 

The  downstream  slope  of  the  dam  is  completely 
covered  with  a  growth  of  brush  and  small  trees  (Photograph  C). 
The  downstream  slope  is  approximately  equal  to  the  design 
value  of  IV  on  2H.  There  were  no  indications  of  slope 
instability,  and  no  seepage  or  wet  areas  were  apparent. 

c.  Appurtenant  Structures.  The  spillway  is  in  fair 
condition  (Photographs  C  and  D) .  There  is  some  minor 
deterioration  of  the  concrete  at  the  upstream  end  of  the  left 
approach  wall,  and  there  is  one  crack  in  the  right  approach 
wall.  A  footbridge  supported  by  three  pairs  of  steel  columns 
spans  the  approach  channel  (Photograph  D).  The  low  steel  of 
the  footbridge  is  at  the  level  of  the  design  elevation  for  the 
top  of  the  dam.  There  was  no  debris  in  the  approach  channel 
on  the  day  of  the  inspection.  The  concrete  weir  and  chute  are 
in  fair  condition.  There  is  some  deterioration  along  the 
chute  slab  Joints  and  on  the  concrete  and  stone  apron  at  the 
bottom  of  the  chute.  There  was  a  slight  amount  of  leakage  at 
the  deteriorated  areas. 
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The  outlet  works  Is  In  fair  condition.  A  bridge 
leading  from  the  upstream  slope  to  the  valve  operating 
mechanism  has  some  missing  boards  (Photograph  E).  The  valve 
was  originally  operated  by  a  stem  and  handwheel.  It  was 
reportedly  damaged  by  ice,  and  the  caretaker  now  uses  a  Jack 
to  open  it.  The  valve  seals  tightly  and  has  no  leakage.  The 
valve  was  reportedly  operated  within  the  past  year,  and  no 
problems  were  encountered.  The  24-inch  diameter  concrete 
conduit  and  the  concrete  outlet  structure  at  its  downstream 
end  are  in  good  condition  (Photograph  P).  There  is  no 
well-defined  outlet  channel  for  flow  from  the  outlet  works. 
Plow  would  travel  along  or  near  the  toe  of  the  dam  until  it 
entered  the  streambed  located  about  100  feet  to  the  right. 

d.  Reservoir  Area.  The  watershed  is  mostly  wooded  and 
has  moderate  slopes.  A  portion  of  the  watershed  has  been 
developed,  but  few  trees  have  been  cut  and  disturbance  of  the 
landscape  has  been  minimal.  There  is  an  unnamed  dam  located 
within  the  watershed  area  0.7  mile  upstream  from  Wildwood  Lake 
Dam  (Photograph  G).  The  dam  is  about  10  feet  high  and 

115  feet  long.  It  is  earthfill  and  dry  stone  masonry 
construction.  There  Is  no  PennDER  identification  number  for 
the  dam. 

e.  Downstream  Conditions.  Immediately  downstream  from 
Wildwood  Lake  Dam,  the  stream  channel  is  moderately  steep  and 
the  valley  Is  wooded.  Ariel  Creek  goes  under  a  secondary  road 
about  600  feet  downstream  from  the  dam.  About  1,000  feet 
downstream,  Ariel  Creek  enters  Roamingwoods  Lake. 

Roamingwoods  Lake  Dam,  located  1.4  miles  downstream.  Is  a 
32-foot  high  earthfill  dam  (Photograph  H).  Roamingwoods  Lake 
Dam  (NDI  ID  No.  PA-00166;  DER  I.D.  No.  64-191)  was  inspected 
In  June  1978  by  Woodward-Clyde  Consultants.  The  Phase  I 
Report  for  the  dam  Indicates  that  it  Is  a  high  hazard  dam,  and 
that  its  spillway  capacity  is  rated  as  inadequate. 
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SECTION  4 


OPERATIONAL  PROCEDURES 


4.1  Procedure.  The  reservoir  is  normally  maintained  at 
spillway  crest  level,  with  excess  inflow  discharging  over  the 
spillway  and  into  Ariel  Creek.  The  outlet  works  is  used 
occasionally  to  draw  down  the  pool  for  maintenance  purposes. 

4.2  Maintenance  of  Dam.  The  dam  is  visited  daily  by  the 
caretaker,  who  lives  in  a  house  adjacent  to  the  dam.  The  need 
for  maintenance  is  determined  by  members  of  the  Wildwood  Park 
Outing  Club,  and  the  work  is  normally  performed  by  the 
caretaker.  Formal  inspections  of  the  dam  are  not  made. 

4.3  Maintenance  of  Operating  Facilities.  The  outlet  works 
operating  mechanism  has  not  been  maintained  in  its  original 
condition,  but  it  is  reported  to  be  operable  by  using  a  Jack. 
The  bridge  from  the  upstream  slope  of  the  dam  to  the  operating 
mechanism  is  in  need  of  repairs. 

4.4  Warning  Systems  in  Effect.  There  is  no  emergency 
operation  and  warning  system. 

4.5  Evaluation  of  Operational  Adequacy.  The  maintenance  of 
the  dam  and  appurtenant  works  is  inadequate,  as  evidenced  by 
the  maintenance  deficiencies  observed  during  the  visual 
inspection.  The  daily  inspection  of  the  dam  by  the  caretaker 
is  good,  but  a  program  of  formal  annual  inspection  is 
necessary  to  detect  potentially  hazardous  conditions.  A 
detailed  emergency  operation  and  warning  system  is  necessary 
to  reduce  the  risk  of  dam  failure  should  adverse  conditions 
develop  and  to  prevent  loss  of  life  should  the  dam  fail. 


SECTION  5 


HYDROLOGY  AND  HYDRAULICS 


5 . 1  Evaluation  of  Features. 


a.  Design  Data.  The  permit  application  report  for  the 
1956  reconstruction  indicates  that  the  design  capacity  of  the 
spillway  was  to  be  2,060  cfs,  which  was  considered  suitable 
for  a  2.6-square  mile  drainage  area.  The  design  capacity  was 
based  on  a  spillway  length  of  42.5  feet,  a  maximum  head  of 
5.5  feet,  and  a  discharge  coefficient  of  3.8.  Although  no 
mention  of  departure  from  the  plans  is  included  in  the 
records,  the  spillway  length  actually  constructed  was 

55*3  feet.  The  maximum  head  at  the  spillway  is  the  same  as 
was  used  for  design.  Due  to  the  increase  in  length,  the 
design  capacity  of  the  spillway  is  actually  2,710  cfs,  using 
the  same  discharge  coefficient  of  3.8,  which  is  considered 
reasonable.  In  addition,  determinations  of  the  drainage  area 
made  from  recent  USGS  mapping  indicate  that  the  actual 
drainage  area  is  only  2.24  square  miles,  which  is  about  14 
percent  smaller  than  the  previous  estimate. 

b.  Experience  Data.  An  8-foot  high  dam  that  once  existed 
at  the  site  failed  during  the  August  1955  flood,  apparently  as 
a  result  of  overtopping.  The  breached  section  was  reported  to 
be  50  feet  wide,  with  scouring  of  the  foundation  to  a  depth  of 
8  feet.  The  records  contain  no  mention  of  downstream  damage. 
For  the  dam  that  was  constructed  in  1956,  there  are  no  records 
of  maximum  pool  levels. 

c.  Visual  Observations. 

(1)  General.  The  visual  inspection  of  Wildwood  Lake 
Dam,  which  is  described  in  Section  3,  resulted  in  a  number  of 
observations  relevant  to  hydrology  and  hydraulics.  These 
observations  are  evaluated  herein  for  the  various  features. 

(2)  Embankment.  The  top  of  the  embankment  is  lower 
than  its  design  elevation  over  most  of  its  length.  The  lowest 
point  is  at  Elevation  1362.6,  which  is  0.9  foot  lower  than  the 
design  level.  Accordingly,  the  existing  spillway  capacity  is 
less  than  its  maximum  capacity. 

(3)  Appurtenant  Structures.  No  deficiencies 
relevant  to  hydraulics  were  observed  at  the  spillway  or  at  the 
spillway  exit  channel.  The  supports  for  the  spillway  bridge 
have  the  potential  to  collect  debris,  which  could  reduce  the 
spillway  capacity. 
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The  operating  mechanism  for  the  outlet  works  is 
damaged  but  still  functional.  The  mechanism  is  located  Just 
above  normal  pool  level,  and  could  not  be  operated  during 
periods  of  high  pool  levels.  Furthermore,  the  reliability  of 
the  current  method  used  in  opening  the  valve  is  questionable. 

(4)  Reservoir  Area.  The  development  that  has 
occurred  within  the  watershed  area  to  date  does  not 
significantly  affect  the  hydrology.  The  10-foot  high  unnamed 
darr  located  0.7  mile  upstream  does  have  some  effect  on  flood 
flows  at  Wildwood  Lake  Dam,  and  it  was  considered  in  the 
analysis  described  hereafter.  If  the  dam  were  to  fail  under 
low  flow  conditions,  it  would  not  cause  overtopping  of 
Wildwood  Lake  Dam.  If  it  failed  at  a  time  when  Wildwood  Lake 
was  at  its  maximum  pool  level,  it  could  cause  overtopping  and 
possibly  failure  of  Wildwood  Lake  Dam. 

(5)  Downstream  Conditions.  No  conditions  were 
observed  downstream  from  the  dam  that  would  reduce  the 
spillway  discharge  capacity.  If  Wildwood  Lake  Dam  were  to 
fail  under  low  flow  conditions,  it  would  not  cause  overtopping 
of  Roamingwoods  Lake  Dam.  If  it  failed  at  a  time  when 
Roamingwoods  Lake  was  at  its  maximum  pool  level,  it  could 
cause  overtopping  and  possibly  failure  of  Roamingwoods  Lake 
Dam.  Since  the  Phase  I  Inspection  Report  for  Roamingwoods 
Lake  Dam  indicates  that  it  is  a  high  hazard  dam  and  since 
failure  of  Wildwood  Lake  Dam  could  under  certain  conditions 
cause  overtopping  and  possibly  failure  of  Roamingwoods  Lake 
Dam,  a  high  hazard  classification  is  warranted  for  Wildwood 
Lake  Dam. 

d.  Overtopping  Potential. 

(1)  Spillway  Design  Flood.  According  to  the 
criteria  established  by  the  Office  of  the  Chief  of  Engineers 
(OCE),  the  Spillway  Design  Flood  (SDF)  for  the  size  (Small) 
and  hazard  potential  (High)  of  Wildwood  Lake  Dam  Is  between 
one-half  of  the  Probable  Maximum  Flood  (PMF)  and  the  PMF. 
Because  of  the  magnitude  of  the  damage  that  could  result  if 
failure  of  Wildwood  Lake  Dam  were  to  cause  failure  of 
Roamingwoods  Lake  Dam,  the  PMF  is  selected  as  the  SDF  for 
Wildwood  Lake  Dam.  The  watershed  was  modeled  with  the  U.S. 
Army  Corps  of  Engineers'  HEC-1DB  computer  program.  A 
description  of  the  model  is  Included  in  Appendix  D.  The 
assessment  of  hydrology  and  hydraulics  Is  based  on  existing 
conditions,  and  the  effects  of  future  development  are  not 
considered. 
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(2)  Summary  of  Results.  Pertinent  results  are 
tabulated  at  the  end  of  Appendix  D.  The  analysis  for  existing 
conditions  shows  that  Wildwood  Lake  Dam  can  pass  about 

48  percent  of  the  PMP  without  overtopping.  During  the 
1/2  PMF,  the  depth  and  duration  of  overtopping  would  be 
0.15  foot  for  1.25  hours. 

It  is  Judged  that  this  depth  and  duration  would 
not  cause  overtopping  failure.  If  the  top  of  the  dam  was 
restored  to  its  design  elevation,  the  dam  would  pass  about 
62  percent  of  the  PMP  without  any  overtopping.  Por  both 
conditions,  failure  of  the  unnamed  dam  located  0.7  mile 
upstream  was  not  considered.  It  is  estimated  that  the 
upstream  dam  can  pass  less  than  5  percent  of  the  PMF  without 
overtopping.  During  the  1/2  PMP,  that  dam  would  be  overtopped 
by  2.06  feet  for  18.75  hours.  It  is  Judged  that  the  upstream 
dam  would  fail  during  the  1/2  PMP,  and  would  probably  fail 
during  floods  smaller  than  the  1/2  PMP.  Under  certain 
conditions,  failure  of  the  upstream  dam  could  result  in 
failure  of  Wildwood  Lake  Dam  during  floods  smaller  than  those 
Wildwood  Lake  Dam  could  normally  withstand. 

(3)  Spillway  Adequacy.  The  criteria  used  to  rate 
the  spillway  adequacy  of  a  dam  are  described  In  Appendix  D. 
Since  the  depth  and  duration  of  overtopping  that  would  occur 
during  the  1/2  PMF  are  Judged  not  to  result  in  overtopping 
failure  of  Wildwood  Lake  Dam  (without  considering  failure  of 
the  upstream  dam),  the  spillway  capacity  Is  rated  as 
inadequate  under  existing  conditions.  If  the  top  of  the  dam 
were  restored  to  Its  design  elevation,  the  potential  for 
overtopping  would  be  greatly  reduced;  but  the  spillway 
capacity  would  still  be  rated  as  Inadequate. 


-13- 


SECTION  6 


STRUCTURAL  STABILITY 


6.1  Evaluation  of  Structural  Stability. 

a.  Visual  Observations. 

(1)  General .  The  visual  inspection  of  Wildwood 
Lake  Dam,  which  is  described  in  Section  3,  resulted  in  a 
number  of  observations  relevant  to  structural  stability. 

These  observations  are  evaluated  herein  for  the  various 
features . 

(2)  Embankment.  The  growth  of  brush  and  trees  on 
the  embankment  slopes  will  eventually  create  a  potential 
hazard  to  the  dam.  As  the  trees  grow,  the  root  systems  create 
potential  paths  along  which  seepage  can  develop.  In  addition, 
the  root  systems  can  loosen  the  slope  protection,  and,  if  a 
tree  should  blow  over,  could  cause  damage  to  the  embankment. 

(3)  Appurtenant  Structures.  The  minor  deterioration 
and  cracking  of  the  concrete  in  the  spillway  approach  channel 
is  a  maintenance  problem  and  does  not  yet  constitute  a  hazard 
to  the  dam.  The  deterioration  and  leakage  along  the  chute 
Joints  and  on  the  apron  are  of  more  concern  because  there  is 
no  underlying  filter  or  drainage  layer.  If  conditions  should 
worsen,  loss  of  foundation  soil  might  occur,  which  would 
create  a  hazard  to  the  stability  of  the  spillway. 

The  outlet  conduit  is  in  good  condition.  To  ensure 
reliability  of  the  valve  operating  mechanism  under  all 
conditions,  the  working  platform  should  be  raised  and  the 
mechanism  should  be  extended  and  repaired.  The  alignment  of 
the  outlet  channel  Is  such  that  an  erosion  hazard  might  exist 
along  the  toe  of  the  embankment  If  the  conduit  dircharged  at 
full  capacity  for  a  prolonged  period  of  time. 

b.  Design  and  Construction  Data.  It  appears  that  no 
stability  analyses  were  performed  during  the  design  of  the 
1956  reconstruction.  However,  the  existing  slopes  of  the 
embankment  are  within  the  range  normally  used  on  dams  of  this 
height,  and  there  were  no  indications  of  stability  problems  at 
the  time  of  the  inspection.  As  a  result,  the  stability  of  the 
embankment  is  probably  adequate  provided  that  reasonable  care 
was  used  during  construction.  There  are  no  construction  data 
for  the  dam.  Other  aspects  concerning  the  design  that  are 
relevant  to  stability  are  discussed  in  Paragraph  2.1c. 
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c.  Operating  Records.  There  are  no  formal  records 
of  operation.  According  to  available  records,  no  stability 
problems  have  occurred  since  it  was  reconstructed  in  1956. 

d.  Post-construction  Changes.  There  have  been  no 
post-construction  changes  to  the  dam. 

e.  Seismic  Stability.  Wildwood  Lake  Dam  is  located  in 
Seismic  Zone  1.  Normally,  it  can  be  considered  that  if  a  dam 
in  this  zone  has  adequate  factors  of  safety  under  static 
loading  conditions,  it  can  be  assumed  safe  for  any  expected 
earthquake  loading.  Since  the  factors  of  safety  are  assumed 
to  be  adequate,  the  dam  is  also  assumed  to  be  stable  for  any 
expected  earthquake  loading. 
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SECTION  7 


ASSESSMENT,  RECOMMENDATIONS,  AND 
PROPOSED  REMEDIAL  MEASURES 


7 . 1  Dam  Assessment 


a.  Safety. 

(1)  Based  on  available  records,  visual  Inspection, 
calculations,  and  past  operational  performance,  Wildwood  Lake 
Dam  is  judged  to  be  in  fair  condition.  Based  on  the  size  and 
hazard  classification  of  the  dam,  the  recommended  SDP  varies 
between  the  1/2  PMF  and  the  PMP.  The  selected  SDP  at  the  dam 
is  the  PMF.  Based  on  existing  conditions,  the  spillway  will 
pass  about  48  percent  of  the  PMP  without  overtopping  of  the 
dam.  It  is  Judged  that  Wildwood  Lake  Dam  could  withstand  the 
depth  and  duration  of  overtopping  that  would  occur  during  the 
1/2  PMP.  As  a  result,  the  spillway  capacity  is  rated  as 
inadequate.  If  the  low  areas  on  the  top  of  the  dam  were 
restored  to  the  design  elevation,  the  spillway  would  pass 
about  62  percent  of  the  PMP  without  any  overtopping. 

Restoring  the  dam  to  its  design  elevation  would  substantially 
reduce  the  risk  of  overtopping,  but  the  spillway  capacity 
would  still  be  rated  as  inadequate.  The  results  described 
above  were  obtained  without  considering  failure  of  the  unnamed 
dam  located  0.7  mile  upstream.  It  Is  judged  that  the  upstream 
dam  could  fail  by  overtopping  during  floods  smaller  than  the 
1/2  PMP  and  that  such  failure  could  under  certain  conditions 
cause  overtopping  and  failure  of  Wildwood  Lake  Dam  during 
floods  smaller  than  those  Wildwood  Lake  Dam  could  normally 
withstand. 


(2)  No  Immediate  stability  problems  were  evident 
at  the  time  of  the  Inspection,  but  deficiencies  do  exist  that 
could  eventually  affect  the  stability  of  the  dam  and 
appurtenances . 

(3)  Maintenance  of  the  dam  is  considered 
inadequate. 

(4)  A  summary  of  the  features  and  observed 
deficiencies  Is  listed  below: 

Feature  and  Location  Observed  Deficiency 

Embankment :  Low  areas  on  top;  brush 

and  trees  on  both  slopes. 
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Feature  and  Location 


Observed  Deficiency 


Spillway : 


Outlet  Works: 


Minor  deterioration  and 
cracking  of  approach 
channel  concrete; 
deterioration  along  chute 
joints  and  on  apron; 
bridge  supports  in 
approach  channel. 

No  access  during  high 
pool  levels;  operating 
mechanism  damaged;  poor 
alignment  of  outlet 
channel . 


b.  Adequacy  of  Information.  The  Information  available 
is  such  that  an  assessment  of  the  condition  of  the  dam  can  be 
inferred  from  the  combination  of  visual  inspection,  past 
performance,  and  computations  performed  prior  to  and  as  part 
of  this  study. 

c.  Urgency.  The  recommendations  in  Paragraph  7.2 
should  be  implemented  without  delay. 

d.  Necessity  for  Further  Investigations. 

Accomplishment  of  the  remedial  measures  outlined  in 
Paragraph  7.2,  will  require  further  investigations  by  the 
Owner. 


7.2  Recommendations  and  Remedial  Measures. 


a.  The  following  remedial  measures  are  recommended  to 
be  undertaken  by  the  Owner,  in  approximate  order  of  priority, 
without  delay: 

(1)  Fill  all  low  areas  on  the  top  of  the  dam  to 
the  design  elevation  of  1363.5. 

(2)  Provide  equipment  as  required  for  removal  of 
debris  that  might  collect  on  the  spillway  bridge  supports 
during  floods. 

(3)  Remove  all  brush  and  trees  from  the  slopes  of 
the  embankment. 

(4)  Make  modifications  as  required  to  ensure 
access  to  the  valve  operating  mechanism  under  all  conditions 
and  restore  the  mechanism  to  its  full  operating  condition. 


(5)  Visually  monitor  the  condition  of  the  chute 
Joints  and  the  concrete  and  stone  apron.  If  conditions 
worsen,  design  and  construct  remedial  measures. 

(6)  Provide  a  means  for  preventing  erosion  at  the 
toe  of  the  dam  in  the  event  of  prolonged  outlet  works 
discharge . 

All  designs,  and  inspection  of  construction  should  be 
performed  by  a  professional  engineer  experienced  in  the  design 
and  construction  of  dams. 

b.  In  addition,  the  Owner  should  institute  the 
following  operational  and  maintenance  procedures: 

(1)  Develop  a  detailed  emergency  operation  and 
warning  system  for  Wildwood  Lake  Dam.  When  warnings  of  a 
storm  of  major  proportions  are  given  by  the  National  Weather 
Service,  the  Owner  should  activate  his  emergency  operation  and 
warning  system. 

(2)  During  periods  of  unusually  heavy  rains, 
provide  round-the-clock  surveillance  of  Wildwood  Lake  Dam. 

(3)  As  presently  required  by  the  Commonwealth, 
institute  a  program  of  formal  annual  inspections  by  a 
professional  engineer  experienced  in  the  design  and 
construction  of  dams.  Utilize  the  inspection  results  to 
determine  if  remedial  measures  are  necessary. 

(4)  Expand  the  existing  maintenance  program  and 
develop  a  formal  maintenance  manual  so  that  all  features 
of  the  dam  are  properly  maintained. 
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APPENDIX  A 

CHECKLIST  -  ENGINEERING  DATA 


ENGINEERING  DATA  Sheet 


POSTCONSTRUCTION  SURVEYS  OF  DAM 


ENGINEERING  DATA  Sheet 


AL  EXAMINATION  OF  1  OBSERVATIONS  I  REMARKS  OR  RECOMMENDA 


OUTLET  WORKS 


RESERVOIR  AND  WATERSHED 


DOWNSTREAM  CHANNEL 


DATE  OF  INSPECTION :  12  NOVEMBER  80 
POOL  ELEVATION:  1358.0 


NOT  TO  SCALE 
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APPENDIX  D 


HYDROLOGY  AND  HYDRAULICS 


APPENDIX  D 


HYDROLOGY  AND  HYDRAULICS 


Spillway  Capacity  Rating: 

In  the  recommended  Guidelines  for  Safety  Inspection 
of  Dams,  the  Department  of  the  Army,  Office  of  the  Chief 
of  Engineers  (OCE) ,  established  criteria  for  rating  the 
capacity  of  spillways.  The  recommended  Spillway  Design 
Flood  (SDF)  for  the  size  (small,  intermediate,  or  large) 
and  hazard  potential  (low,  significant,  or  high)  class¬ 
ification  of  a  dam  is  selected  in  accordance  with  the 
criteria.  The  SDF  for  those  dams  in  the  high  hazard 
category  varies  between  one-half  of  the  Probable  Maximum 
Flood  (PMF)  and  the  PMF.  If  the  dam  and  spillway  are 
not  capable  of  passing  the  SDF  without  overtopping 
failure,  the  spillway  capacity  is  rated  as  inadequate. 

If  the  dam  and  spillway  are  capable  of  passing  one-half 
of  the  PMF  without  overtopping  failure,  or  if  the  dam  is 
not  in  the  high  hazard  category,  the  spillway  capacity 
is  not  rated  as  seriously  inadequate.  A  spillway 
capacity  is  rated  as  seriously  inadequate  if  all  of  the 
following  conditions  exist: 

(a)  There  is  a  high  hazard  to  loss  of  life  from 
large  flows  downstream  of  the  dam. 

(b)  Dam  failure  resulting  from  overtopping  would 
significantly  increase  the  hazard  to  loss  of  life  down¬ 
stream  from  the  dam  from  that  which  would  exist  just 
before  overtopping  failure. 

(c)  The  dam  and  spillway  are  not  capable  of 
passing  one-half  of  the  PMF  without  overtopping 
failure . 

Description  of  Model: 

If  the  Owner  has  not  developed  a  PMF  for  the  dam, 
the  watershed  is  modeled  with  the  HEC-1DB  computer 
program,  which  was  developed  by  the  U.S.  Army  Corps  of 
Engineers.  The  HEC-1DB  computer  program  calculates  a 
PMF  runoff  hydrograph  (and  percentages  thereof)  and 
routes  the  flows  through  both  reservoirs  and  stream 
sections.  In  addition,  it  has  the  capability  to 
simulate  an  overtopping  dam  failure.  By  modifying  the 
rainfall  criteria,  it  is  also  possible  to  model  the  100- 
year  flood  with  the  program. 
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APPENDIX  D 


_ De-  la.  uuarfc. _ River  Basin 

Name  of  Stream:  Arie.1  rraek. _ 

Name  of  Dam: Wii duwnd  LaJ£±  Cam _ 

NDI  ID  No  .  :  pa  ~  a  o  is'T _ 

DER  ID  No  .  :  64-30 _ 

Latitude:  n  4t°  2i= '  55" _  Longitude:  w  7sc  -zo'  So" _ 

Top  of  Dam  Elevation:  f  Louu  Point ) _ 

Streambed  Elevation :_/j_4_5±_o_  Height  of  Dam:  n,  q, _ ft 

Reservoir  Storage  at  Top  of  Dam  Elevation:  (n4-4  acre-ft 

Size  Category:  Small _ _ 

Hazard  Category:  Pl'ah  (see  Section  5) 

Spillway  Design  Flo oh: SbF  varies  frcm  jj  MF  io  PMf; 

5c.Il d- _ PkAP  based  on  A*n>/>s-l rr.ot* _ c.aneL;4i'p/is 


UPSTREAM  DAMS 


Name 

Distance 

from 

Dam 

(miles ) 

Height 

(ft) 

Storage 
at  top  of 

Dam  Elevation 
(acre-ft) 

Remarks 

Unnamed  dam 

0.1 

IQ 

99 

Nat  hi  ltd,.  _ 
hu  Penn  DER. 

< 

in  ^  u roods 
Lakt._  Darn 


I.A. 


DOWNSTREAM  DAMS 

5R<eS 


NDI  Pfl-QQibt? 
_ ctfk  Llo-  64-1 11 


Sub- 


Name  of  Stream:  Ar;e.l  Crc  gjh 
Name  of  Dam:  WlleJmtexd  Lake 
DETERMINATION  OF  PflF  RAINFALL 


Drainage 

Area 

(square 

miles) 


Total]  X.Z4  1  (See  Sketch  on  Sheet  D-4) 

(1)  &  (2):  Snyder  Unit  Hydrograph  coefficients  supplied  by 
Baltimore  District,  Corps  of  Engineers  on  maps  and 
plates  referenced  in  (7)  &  (8) 

The  following  are  measured  from  the  outlet  of  the  subarea: 

(3)  :  Length  of  main  watercourse  extended  to  divide 

(4)  :  Length  of  main  watercourse  to  the  centroid 

The  following  is  measured  from  the  upstream  end  of  the 
reservoir  at  normal  pool: 

(5)  :  Length  of  main  watercourse  extended  to  divide 


■3,  except  where  the  centroid  of 
the  reservoir.  Then 


(6):  Tp=Ct  x  (L  x  Lca)  except  where 

the  subarea  is  located  in  the  reservoir. 
Tp=Cf  x  (L')  °-6 

Initial  flow  is  assumed  at  1.5  cfs/sq.  mile 
Computer  Data:  QRCSN  =  -0.05  (5%  of  peak  flow) 
RTIOR  =  2.0 

RAINFALL  DATA: 

PMF  Rainfall  Index=  2.1.5  in.  ,  24  hr.,  200  s 

Hydrome t .  40  Hydr 

(Susquehanna  Basin)  (Othe 

Zone:  N/A  _ 

Geographic  Adjustment 

Factor:  _ hj  j A 

Revised  Index 

Rainfall:  _ A j/A 

RAINFALL  DISTRIBUTION  TpercentT~ 


200  sq.  mile 
Hydromet.  33 
(Other  Basins) 


2  I.  £ 


Time 
6  hours 
1 2  hours 
24  hours 
48  hours 
72  hours 
96  hours 


Percent 

/// 

/23 
13  3 

_ NlA _ 
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Data  for  Dam  at  Outlet  of  Subarea  (See  sketch  on  Sheet  D-4) 

Name  of  Dam: - U a  fid  filed _ Dari Q,  7  Mile  Upz-hrLam _ 

STORAGE  DATA: 


Storage 


Elevation 

Area 

(acres) 

million 

gals 

acre-f t 

Remarks 

HbZ-0  =ELEV0 

0 

0 

0  * 

S-frrjhmbtxJ 

/ 5  7 o-S  “ELEV1 

22  =A1 

Z£> 

6*  -SI 

Normal  f>ce> 1 

~Tr.  j>  c,j  An  Art 

1312. o 

27 

3Z 

/SBO-O 

_ _ 

1AL 2 

_i42 _ 

*  5;  * 

**  Planimetered  contour  a=fc."~lga.gfc 1  •?  0 .  f  war  above  top  of  dam 

Reservoir  Area  at  Normal  Pool  is  Z  percent  of  subarea 
watershed. 

BREACH  DATA:  Vaoi  assumed  r>ci  io  -fail  -for  analysis  j  W/ldusccd  Lake.  "b<*< 

See  Appendix  B  for  sections  and  existing  profile  of  the  dam. 

Soil  Type  from  Visual  Inspection: _ 

Maximum  Permissible  Velocity  (Plate  28,  EM  1110-2-1601) _ fps 

(from  Q  =  CLH2/2  =  V*A  and  depth  =  (2/3)  x  H)  &  A  =  L’depth 

HMAX  -  (4/9  V2/C2)  =  _ ft.,  C  =  _ Top  of  Dam  El.- _ 

HMAX  +  Top  of  Dam  El.  = _ -  FAILED 

(Above  is  elevation  at  which  failure  would  start) 

Dam  Breach  Data: 

BRWID  *  _ _ ft  (width  of  bottom  of  breach) 

Z  -  _  (side  slopes  of  breach) 

ELBM  -  _  (bottom  of  breach  elevation,  minimum  of 

zero  storage  elevation) 

WSEL  *  _  (normal  pool  elevation) 

T  FAIL- _ mins  =  _ hrs  (time  for  breach  to 

develop) 


Data  for  Dam  at  Outlet  of  Subarea  4-1 _ 

Name  of  Dam : .  Unnarntd  .  Da.ot  Q.  7  Milt  Uf>s4rtam 

SPILLWAY  DATA:  Existing  Design 

Conditions  Conditions 


Top  of  Dam  Elevation 
Spillway  Crest  Elevation 
Spillway  Head  Available  (ft) 

Type  Spillway 
"C"  Value  -  Spillway 
Crest  Length  -  Spillway  (ft) 

Spillway  Peak  Discharge  (cfs) 

Auxiliary  Spillway  Crest  Elev. 

Auxiliary  Spill.  Head  Avail,  (ft) 

Type  Auxiliary  Spillway 
"C"  Value  -  Auxiliary  Spill,  (ft) 

Crest  Length  -  Auxil.  Spill,  (ft) 

Auxiliary  Spillway 

Peak  Discharge  (cfs) 

Combined  Spillway  Discharge  (cfs) 

Spillway  Rating  Curve:  Q  =  (2.9 )( to)  H1'5 

Q  Auxiliary 

Elevation  Q  Spillway  (cfs)  Spillway  (cfs)  Combined  (cfs) 


OUTLET  WORKS  RATING: 


Invert  of  Outlet 
Invert  of  Inlet 
Type 

Diameter  (ft)  =  D 
Length  (ft)  =  L 
Area  (sq.  ft)  =  A 
N 

K  Entrance 
K  Exit 

K  Friction=29.lN2D/R4/3 
Sum  of  K 
(1/K)  °*5  =  C 
Maximum  Head  (ft)  =  HM 
Q  =  CA  /  2g(HM) (cfs) 

Q  Combined  (cfs) 


Outlet  1  Outlet  2  Outlet  3 

- -  - 


— . 
^5 


3 


Data  for  Dam  at  Outlet  of  Subarea  >7- 2_  (See  sketch  on  Sheet  D-4) 


Name  of  Dam:  Wild 

uiocd  Lake 

Dam 

STORAGE  DATA: 

Elevation 

Area 

(acres) 

Storag 

million 

gals 

e 

acre-f t 

Remarks 

1345.0  -ELEVO 

0 

0 

0  ^ 

Sir  cam  bed 

IS  5 B.o  -ELEV1 

4  7  -A1 

94 

240  -SI 

Nome  /  pet  1 

llbTL.U 

ei 

2o4 

G44 

La  uj  pi.  ice  4a 

UteS.S 

<f2L 

2  $5 

7  Z4 

Des/jn  itp  dam 

>lbO  -  0  +* 

■_/g  S 

— S6£ _ 

Z163 

.  ,,  AiLelbxi-  ecEVQj 

**  Planimetered  contour  at  least  10  feet  above  top  of  dam 

Reservoir  Area  at  Normal  Pool  is  /£>  percent  of  subarea 
watershed . 

BREACH  DATA:  Breach  analyst's  Vci  performed  for  Wildwood  Lake.  Zhrrt  . 

See  Appendix  B  for  sections  and  existing  profile  of  the  dam. 

Soil  Type  from  Visual  Inspection: _ 

Maximum  Permissible  Velocity  (Plate  28,  EM  1110-2-1601) _ fps 

(from  Q  =  CLH^/2  _  VA  and  depth  =  (2/3)  x  H)  &  A  »  L’depth 

HMAX  =  (4/9  V2/C2)  =  _ ft.,  C  =  _ Top  of  Dam  El.- _ 

HMAX  +  Top  of  Dam  El.  = _ -  FAILEL 

(Above  is  elevation  at  which  failure  would  start) 

Dam  Breach  Data: 

BRWID  -  __ _ ft  (width  of  bottom  of  breach) 

Z  -  _  (side  slopes  of  breach) 

ELBM  -  _  (bottom  of  breach  elevation,  minimum  of 

—  zero  storage  elevation) 

WSEL  -  _ _  (normal  pool  elevation) 

T  FAIL-  _ _ mins  -  _ hrs  (time  for  breach  to 

develop) 
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Data  for  Dam  at  Outlet  of  Subarea  A  -2, 
Name  of  Dam:  YHUtvood  Lake  7)  am 


SPILLWAY  DATA: 


Existing  Design 

Conditions  Conditions 


Top  of  Dam  Elevation 
Spillway  Crest  Elevation 
Spillway  Head  Available  (ft) 

Type  Spillway 

"C"  Value  -  Spillway 

Crest  Length  -  Spillway  (ft) 

Spillway  Peak  Discharge  (cfs) 

Auxiliary  Spillway  Crest  Elev. 

Auxiliary  Spill.  Head  Avail,  (ft) 

Type  Auxiliary  Spillway 

"C"  Value  -  Auxiliary  Spill,  (ft) 

Crest  Length  -  Auxil.  Spill,  (ft) 

Auxiliary  Spillway 

Peak  Discharge  (cfs) 
Combined  Spillway  Discharge  (cfs) 


1562.6,  11 6,2.  S' 

12  66  D  1266-0 

4.  6,  _ 3. S' 

Triangular  cane.,  mi.tr _ 

^3.3  3.3 

-55.3  65.3 

2013  21  !Q 

M/L  _ N(A— 

_ ujA _  M/A _ 

_ A//-4 . .  __ 

N/A  N 

HjA  n/A _ 

N/A  alA _ 

20  73  27/0 


Spillway  Rating  Curve:  Q-  (3< B)(35.3)(H) 

Q  Auxiliary 

Elevation  Q  Spillway  (cfs)  Spillway  (cfs)  Combined  (cfs) 


OUTLET  WORKS  RATING:  Outlet  1 


Invert  of  Outlet 
Invert  of  Inlet 
Type 

Diameter  (ft)  =  D 
Length  (ft)  =  L 
Area  (sq.  ft)  =  A 
N 

K  Entrance 

K  Exlt  5 

K  Friction=29.lN2L/R4/3 
Sum  of  K 
(1/K)  °-5  =  C 
Maximum  Head  (ft)  =  HM 
Q  =  CA/2g(HM)(cfs) 

Q  Combined  (cfs) 


I2.il, X. 
l3b4-o 
KCP 
2. 

_ ^ _ 

<2.  Oil— 

o.  r 

/■  o  — 

.32,4 _ 

_ 

a.  7  — 
13  — 
_ — 

_ 


Outlet  2  Outlet  3 
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Inpu-f-  Da-f’eu 
Su/n/narij  of  Ptakf  lotos 
Unnantd  Dam  0-1  Mlk  Ups+rttm 
W  ild  weed  Lake  Dam 


CO  o  ^ 

o  •  »  ** 

W 1  fw  O  ^ 


O  ir  T-  V  if  ''i  f 

•  «  •  4  6  u* 

*1  | rnt  ~  •  •  * 

f*»  it  »V*  o  o  * 


«  *  * 
a  »  o  » 

o  —  ■ 

X  -  »  ■ 
*.  v  «  • 
«•  a  w  ■ 

U.  Ui  —  » 

VS  *>  ta.  ■ 

o  —  • 

*  ►  o  • 

t.4  ~  O  • 


oifiP»^Nri<* 

O  «  • 

c  *  -*  • 


0-/0 


t  i  c  c 


su*«»n  or  p»*  (mu 


Summafv  or  o«*  s*n  tt  anaivms 


BY _ 

CHKD  BY. 


SUBJECT. 


SHEET  NO  , 
JOB  NO  _ 


)UMff7an< 


ie>od  LaKt  uam 

t  Ptr/fftwh  Ri.su  0’S 


Mulli  -  rah'v  Analysis 

PMP 

'4  PM. 

Auto  fall  (inches) 

24.4Z 

IZ.2I 

JLunoft  ( /nthts) 

22.4  2. 

n.zi 

Peak  Inftou)  (c fs) 

stns& 

2,05? 

Peak  Ou-tf/oLU  (ojs) 

£j  438> 

2,  /IS- 

cfi  Qverhppmy  (ft-) 

/.7 4 

o.  IS 

Du  ret) f on  of  Ovt/jopp/nj  (hr) 

£.00 

/.  2S 

D-J* 


J*v 

/  ‘  nui 


UNNAMED  DAM 


J  WILDWOOD  LAKE  DAM 
■MAINTENANCE  BUILDING 


I 

/  h/ 


APPROXIMATE  MINIMUM  LIMITS  OF 
•DOWNSTREAM  FLOODING  SHOULD 
DAM  FAILURE  OCCUR 


ROAMINGWOODS  LAKE  DAM 


NOTES: 

1.  LIMITS  OF  DOWNSTREAM  FLOODING 
ARE  ESTIMATES  BASED  ON  VISUAL 
OBSERVATIONS. 

2.  CIRCLED  NUMBERS  INDICATE 
STATIONS  USED  IN  COMPUTER 
ANALYSIS. 

3.  THIS  MAP  SHOULD  NOT  BE  USED 
IN  CONNECTION  WITH  THE 
EMERGENCY  OPERATION  AND 
WARNING  PLAN. 


ADDITIONAL  POSSIBLE  DAMAGE 
AREAS  COVERED  IN  PHASE  I 
REPORT  FOR  ROAMINGWOODS 
LAKE  DAM 


2000 


2000 


_  Ajhngum  yfT  a 

PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  INSPECTION  PROGRAM 

WILDWOOD  LAKE  DAM 
WILDWOOD  PARK  OUTING  CLUB,  INC. 

DOWNSTREAM 
DEVELOPMENT  PLAN 


SCALE'  I  IN.  *2000  FT. 


MARCH  I9SI 


EXHIBIT  D-l 


UNNAMED 

DAM 


WILDWOOD  LAKE  DAM 


7  1/2  MINUTE  QUADRANGLE 
LAKEVILLE.  PA. 


WILDWOOD  LAKE  DAM 


ROAMING  WOODS  LAKE  DAM 


-ARIEL  CREEK 


LAKE  GENERO- 


SCALE  I  IN.  =  2000  FT. 


I 


PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  INSPECTION  PROGRAM 

WILDWOOD  LAKE  DAM 
WILDWOOD  PARK  OUTING  CLUB,  INC. 

LOCATION  MAP 


MARCH  1961 


PLATE  E-l 


PHASE  I  INSPECTION  REPORT 
NATIONAL  OAM  INSPECTION  PROGRAM 

WILDWOOD  LAKE  DAM 
WILDWOOD  PARK  OUTING  CLUB,  INC. 

PLAN  AND  SECTIONS 
SHEET  2  OF  2 


MARCH  1981 


PLATE  E-3 


APPENDIX  F 


GEOLOGY 


WILDWOOD  LAKE  DAM 


APPENDIX  F 
GEOLOGY 


Wildwood  Lake  Dam  is  located  in  Wayne  County  within  the 
Appalachian  Plateau  Physiographic  Province.  The  most 
pronounced  topographic  feature  in  the  area  is  Camelback 
Mountain,  which  is  part  of  the  Pocono  Plateau  Escarpment.  The 
escarpment  has  a  well-defined  southwestward  trend  from 
Camelback  Mountain;  but  is  irregular  between  Camelback 
Mountain  and  Mt.  Pocono,  which  lies  to  the  north.  Streams 
east  of  the  escarpment  drain  directly  to  the  Delaware  River, 
while  those  to  the  west  drain  to  the  Lehigh  River. 

The  Pocono  Plateau  Section  lies  to  the  west  of  the 
escarpment.  This  area  is  relatively  flat,  with  local  relief 
seldom  exceeding  100  feet.  The  topography  has  been  greatly 
influenced  by  continental  glaciation.  Many  features  were 
created  by  deposition  of  glacial  materials.  The  entire 
plateau  lacks  well-developed  drainage. 

East  of  the  escarpment  is  the  Glaciated  Low  Plateaus 
Section  of  the  province.  This  area  is  characterized  by 
preglacial  eroslonal  topography  with  locally-thick  glacial 
deposits.  Local  relief  is  generally  100  to  300  feet. 

Bedrock  units  of  the  sections  described  above  are  the 
lithlfied  sediments  of  offshore  marine,  marginal  marine, 
deltaic  environments  and  fluvial  environments  associated  with 
the  Devonian  Period.  These  units  include  siltstones  of  the 
Mahantango  Formation,  siltstones  and  shales  of  the  Trimmers 
Rock  Formation,  and  seven  mapped  members  of  the  Catskill 
Formation.  These  members  include  sandstones,  siltstones,  and 
shales  of  the  Towamensing  Member;  sandstone,  siltstone  and 
shale  of  the  Walcksville  Member;  sandstones,  siltstones  and 
shale  of  the  Reaverdam  Run  Member;  sandstone  and  shale  in  the 
Long  Run  Member;  sandstones  and  conglomerates  in  the  Packerton 
Member;  sandstones  and  some  conglomerates  in  the  Poplar  Gap 
Member;  and  sandstones  and  conglomerates  in  the  Duncannon 
Member. 

Wildwood  Lake  Dam  is  underlain  by  the  Poplar  Gap  Member 
of  the  Catskill  Formation.  The  Poplar  Gap  Member  is 
predominantly  a  gray  sandstone  and  conglomeratic  sandstone 
with  interbedded  siltstones  and  shales.  Sandstones  present 
are  thick-bedded,  fine- to  coarse-grained  and  exhibit  very  low 
primary  porosity  due  to  a  clay  and  silica  matrix.  Effective 
porosity  results  from  fractures  and  parting  planes. 
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Conglomeratic  sandstone  occurs  primarily  as  concentrates 
of  subround  to  round  quartz  pebbles.  The  siltstones  and 
shales  at  the  site  are  thin-bedded  and  also  have  low  porosity. 

The  rocks  are  well-indurated  and  generally  are  not 
susceptible  to  slope  failure;  however,  the  presence  of 
well-developed  bedding  and  Joint  planes  will  result  in  some 
rockfall  from  vertical  and  high-angle  cut  slopes. 

Bedrock  is  entirely  overlain  by  glacial  till  of  Late 
Wisconsin  Age.  This  till  is  an  unsorted  mixture  of  clay, 
silt,  sand,  and  gravel.  It  is  moderately  cohesive  and  is 
generally  derived  locally  from  the  sandstones  of  the  Catskill 
Formation.  Thickness  of  the  till  varies  from  5  to  75  feet. 


F-2 


